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each of these beds, but I knew nothing of this, the beds being
entirely laid when I first came here."

The trouble in beds C and D did not continue to increase as
rapidly as feared. The following table shows the consumption
of water at this Post for a period of nine months following com-
plaints made by the builders of the sewage works, because of
the excessive surplus of water turned into the sewer. These
complaints resulted in a complete overhauling of the plumbing
of the Post and a saving of some $25,000 per annum to the
Government in water bills.

Consumption of water during month of
	Gallons.


	33 614 372

February 1905                                   .   .       .   .
	26,574 196

March  1905     ....................
	18,267,656

April, 1905   .....................
	15,749,140

May 1905        ...................
	15,864,332

June 1905    .....................
	16,669,180

July 1905                    .          .          ...........
	14,940,552

August, 1905    ....................
	15,083,869

September 1905         .                     ..........
	11,174,374


	

During all of this period the plant was operated by the Gov-
ernment, the writer visiting it a few times in the interests of
the builders. Some experiments were directed by him through
correspondence and carried out by the foreman in charge.
The object of these experiments was to improve the aeration of
the second set of contact beds by drawing a mild current of
air through them into the stack of the garbage crematory con-
nected with the plant. Late in 1905, the foreman reported
clogging of the first set of beds, which were covered with con-
crete and earth, so that they could not be examined with the
eye. Experiments were then instituted to improve the aeration
of these beds, and from reports received by letter were appar-
ently successful However, upon visiting the works on Novem-
ber 4, the writer found the conditions worse than he expected,